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STAUniW , , STARVMY 


FIRE AlARM CLOSET 


J* 


MECHANICAL EOUIPMEHT ROOM 


OR C(^NUATK)N 
SEE owe E-18 



-FOR CONTINOAnON 
SEE DWS E-3 


EJOST WIREWAY- 


1 . FOR IXCENO. A88RErtA■^0^^S & 
GENERAL tWTES. SEE DWG E~1. 

2. rNSTALL NTC AND XNET CASINtTS. 

coNOurrs. as shown. 

3. OtSCONNECT MO PULL Olff 28 PAIRS CABlfS 
FROM NTC-t1 AT 7th FLOOR FA CLOSCT TO Poa 
BOX 'BT. VIA CONDUIT 'BZ" 

4. DISCONNECT AND REMOVE 14 PAIRS OF CABLE? 
FROM h7C-S8 AT 9th FLOOR Fa CLOSET. TO PUa 
BOX "sr. AT 7th FLOOR, VU CONOUrT "81" 

5- INSTALL 28 PAIRS OF CABLE FROM NTC-X5 ON 9th FXOOR 
MER TO PULL BOX "C*. VIA CWOm "8? 

6. fNSTWJL 14 PAIRS OF CA8l£ FROM PULL BOX "C ON 9lh 
FLOOR TO NTC-SS AT 9Ui aOOR FA CLOSET. VIA CONDUIT 
"81". 

7. INSTAU U PAIRS OF CABLE OJOU PULL BOX "C W 9th 
FLOOR TO PULL BOX "ff* ON 7th aOOR, W CONDUIT "81". 

8. INSTALL 28 PAIRS OF CABLE FROM PULL BOX "r ON 7th 
FLOOR TO NTC-I1 AT 7th FLOOR FA aOSCT. VIA CONDUIT 
"82", AND RECONNECT TO SAME TERMINALS. 

9. OtSCONNECT mO RftlOVE £ PAIRS OF CABLE FROM HTC-S8 
AT 9lh FLOOR FA CLOSET TO NTC-F, VIA CONDUIT 'CS". 

10. INSTALL S PAIRS Of CASI£ FROM NTC-S8 CN 9th aOOR 
FA CLOSET TO NTC-F, VIA CONDUIT "CT 

11. DISCONNECT AND PULL OUT 28 PAIRS OF CABLE 
VtA CONDUIT "62-1" FROM NTC-12 W B1 LEVEL 
FA CLOSET TO PULL BOX "A". 

12. REINSTALL 14 PAIRS OF CASLZ. THAT ARE WBELEO Ut>, 
IN CONDUIT "81" FROM PULL BOX "A" TO NTC-IJ, 

13. REINSTALL 14 PAIRS OF CABLE. THAT i\RE Ij^BaED DOV.U 
BACK FROM PULL BOX "A" TO NTC-12 VIA CONDUIT "32-1 . 

U. INSTALL 4 PAIRS OF CABLE FROM NTC-t AT 81 LT-U FA 
CLOSET TO NTC-12, VIA EXISTING CONDUIT "C2r (LEAVE 
EXISTING 2 PAIRS OF CABLE IN 'CT). THERE IS TOTAL 
OF 6 PAIRS IN CONDUIT "02^*. 

15. DISCONNECTION AND HNAL CONNECTION OF CABLES SHALL BE 
MADE BY CONTRACTOR IN THE PRESENCE OF THE ENGINEER. 

I HEREBY CETfTIFY THAT THIS tS A TRUE Al« 
CORRECT COPY OF ONE OF THE CONTRACT 
DRAWINGS CONCTWTINQ A RAOT OF 

CONTRACT NO-Untf^LSJ/^J"^^ 
THE FORM IN WftCHm 
EXISTED AT THE TIME THE SAID 00MTRM:T 
WAS EffiCUTED BV THEPWniES. 
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CIRCUITRY LEGEND 

CONDUIT "A" " 


CONDUIT "Al" — 


A2" CONDLRT "AT — 


CONDUr "B* 


CONDUIT 'Bl' — 


Sr CONDUIT 'BT 


S2-r CONOlflT "B2-1' 


CONDUIT "C" 


CONDUIT "cr 


cr CONDUIT "cr 


CONDUIT 'D' ~ 


CONDUIT "Dl" ~ 


14-14/2 £HtLOtO TLfiO:^ 
CABLES IN 1 1/r CSC 

16-14/2 SHIELDED TEFlON 
C/^BLES IN 2" CSC 

16-14/2 SHIELDED TEFLON 
C/BLES IN 1 1/2" CSC 

14-14/2 SHIELDED TEFLON 
CABLES IN 1 l/2r OSC 

14-14/2 SHIELDED TERON 
OBLES IN 1 1/2" GSC 

28-14/2 SHIELDED TEFlOM 
CABLES IN 2" OSC 

28-14/2 SHiELOEO TEFs.ON 
CABLES IN 2' GSC 


2-14/2 SHIELDED TEaaN 
CABLES IN r GSC 

5-14/2 SHIELDED TEaWJ 
CAeL£S IN 2' GSC 


6- U/2 SHIELDED TEFWH 
CABLES IN 2" GSC 

7- 14/2 SHIELDED TEa(>N 
CABLES IN 3* GSC 

8- 14/2 SHIEtXJK) TEFLON 
CABUS IN 3* GSC 
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No. Cot« Re\Is'or 
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ELECTRICAL 


Title 


FIRE ALARM SYSTEM 

PHASE III 
5 WTC MER*S, EWR'S 
AND SUBSTATIONS 


STYLE-7 IMPLEMENTATION 
AND NETWORKING 
RISER DIAGRAM 


trl: croiwirj subject le conjtlon Z^^Vc^l. -^i 
r*$*:5\«! to- Pet Aytncrlt/ :rv>^ -^c If ,st; \ 
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